AFD   THE  PBEYEKTIOtf  OE   SMOKE.
Fig. 55.
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Eig. 55. This was a large steamer of 350 horse-power, with tubular boilers. The plan of furnace here shown represents it as it came from the maker. Three lengths of bars, 2 feet 8 inches each, filled the entire space, leaving no room for the admission of air to the gas. The consequence was, a great consumption of fuel; a great generation of smoke; and much inconvenience and expense, from the destruction of the txibes and face-plate.
Fig. 56.
Eig. 56. This is the same boiler. The bars having been shortened, the air-box was introduced into the bridge. Not withstanding the evils of the short run, the change here